Errata 


NFPA 13 

Standard for the Installation of Sprinkler Systems 

2002 Edition 

Reference: Table 12.2.2.3.1, Table 12.3.2.1.2, and Section 12.4.1.4 
Errata No.: 13-02-1 

The Committee on Automatic Sprinkler Systems notes the following errors in the 2002 edition of NFPA 13, 
Standard for the Installation of Sprinkler Systems. 

1. Revise Table 12.2.2.3.1 to read as follows: 


Table 12.2.2.3.1 ESFR Protection of Palletized and Solid-Pile Storage of Class I through IV Commodities 


Commodity 

Maximum 

Storage 

Height 

Maximum 

Ceiling/Roof 

Height 

Nominal 

K- 

Factor 

Orientation 

Minimum 

Operating 

Pressure 

Hose Stream 
Demand 

Water 

Supply 

Duration 

(hours) 

ft 

m 

ft 

M 

psi 

ba 

r 

gpm 

L/min 

Class I, II, 

HI, or IV, 
encapsulated 
(no open-top 
containers or 
solid 
shelves) 

20 

6.1 

25 

7.6 

11.2 

Upright 

50 

3.4 

250 

946 

1 

14.0 

Upright or 
pendent 

50 

3.4 

16.8 

Pendent 

35 

2.4 

25.2 

Pendent 

15 

1.0 

25 

7.6 

30 

9.1 

14.0 

Upright or 
pendent 

50 

3.4 

16.8 

Pendent 

35 

2.4 

25.2 

Pendent 

15 

1.0 

32 

9.8 

14.0 

Upright or 
pendent 

60 

4.1 

16.8 

Pendent 

42 

2.9 

30 

9.1 

35 

10.7 

14.0 

Upright or 
pendent 

75 

5.2 

16.8 

Pendent 

52 

3.6 

25.2 

Pendent 

20 

1.4 

35 

10.7 

40 

12.2 

14.0 

Pendent 

75 

5.2 

16.8 

Pendent 

52 

3.6 

25.2 

Pendent 

25 

1.7 

35 

10.7 

45 

13.7 

25.2 

Pendent 

40 

2.8 

40 

12.2 

45 

13.7 

25.2 

Pendent 

40 

2.8 


2. In Table 12.3.2.1.2 column Without In-Rack Sprinklers change first two rows in column Curves to read: 


“G and H", “E and F” 


3. Add new section 12.4.1.4 to read as follows: 

The protection specified in 12.4.1.1.1 shall not be required where ESFR or large drop sprinkler systems that are 
approved for rubber tire storage are installed. Renumber 12.4.1.3, 12.4.1.4 and 12.4.1.5 accordingly. 
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